December  1,2009 


DAVSD  EVANS 
and  AS  S O C  I  AT  E S  inc. 


D 


Mr.  Daniel  Wilson 


EXPIRATION  PATE: 6-3  o-2*Jtl 


Marion  County  Facilities  Management 
100  High  Street  NE 
Salem,  OR  97308 

SUBJECT:  COURTHOUSE  SQUARE  QUARTERLY  BUILDING-MONITORING  PROGRAM 


We  have  completed  the  second  quarterly  floor  survey  of  the  quarterly  monitoring  program.  Of  the  fifteen 
surveyed  locations,  six  had  0.00"  change  in  deflection,  four  had  0.05"  change,  four  had  0.10"  change,  and  one 
had  a  0.20"  change.  We  also  completed  our  first  quarterly  observations  of  the  installed  crack  monitors.  One 
monitor  out  of  nine  indicated  measurable  crack  movement.  This  monitor  is  located  in  the  air  handling  room 
P298  in  the  northeast  corner  of  the  underground  parking  area.  This  monitor  indicated  that  there  is  movement 
at  the  top  of  the  wall,  which  is  likely  due  to  the  slab  above  still  undergoing  shortening.  Based  on  these  and 
prior  findings,  it  appears  that  the  floor  slabs  are  still  experiencing  noticeable  albeit  minimal  shortening  due  to 
the  reasons  we  previously  described  in  our  evaluation  reports  dated  April  and  June  of  2009. 

It  is  DEA's  professional  opinion  that  the  building  is  still  safe  to  occupy  until  the  strengthening/leveling  repairs 
are  completed.  Although,  the  ultimate  strength  of  the  slabs  is  not  affected  by  the  current  slab  deflection,  we 
recommend  that  these  repairs  be  completed  as  soon  as  possible  to  meet  current  code  requirements  and  to 
repair  or  replace  the  non-structural  elements  damaged  by  the  floor  deflection  to  improve  the  safety  of  the 
structure  and  alleviate  concern  regarding  the  integrity  of  the  building  structure.  Until  these  repairs  have  been 
made  we  will  continue  the  building-monitoring  program  and  provide  the  results  and  our  recommendations 
each  quarter. 


DAVID  EVANS  AND  ASSOCIATES,  INC. 

Jeremy  Williams,  P.E. 
Project  Engineer 


Attachments/Enclosures:  Quarterly  Monitoring  Survey  Results  (3rd,  4th,  and  5th  Floors)  and  Crack  Monitor 
Photos 


Dear  Daniel: 


Sincerely, 


2100  Southwest  River  Parkway  Portland  Oregon  97201  Telephone:  503.223.6663  Facsimile-.  503.223.2701 


DAVID  EVANS 
and  ASSOCIATES  inc. 


[X]  Indicates  Location  of  Spot  Elevation  Survey  Number  for 
Quarterly  Building-Monitoring  Program 
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Note:  Positive  A  deflection  indicates  increase  in  deflection 
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Marion  County 


OREGON 


BUSINESS  SERVICES 
Facilities  Management 


FACIUTY: 

COURTHOUSE  SQUARE 
THIRD  FLOOR 
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DAVID  EVANS 
and  ASSOCIATES  inc. 


[X]  Indicates  Location  of  Spot  Elevation  Survey  Number  for 
Quarterly  Building-Monitoring  Program 
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Note:  Positive  A  deflection  indicates  increase  in  deflection 
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Marion  County 


OREGON 


BUSINESS  SERVICES 
Facilities  Management 


FACILITY: 

COURTHOUSE  SQUARE 
FOURTH  FLOOR 


CS-4 


FILE  NAME: 
CS4.dWg 


BLDG  PLAN  DATE: 
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DAVID  EVANS 
and  ASSOCIATES  inc. 


XJ  Indicates  Location  of  Spot  Elevation  Survey  Number  for 
Quarterly  Building-Monitoring  Program 
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Marion  County 


OREGON 


BUSINESS  SERVICES 
Facilities  Management 


FACILITY: 

COURTHOUSE  SQUARE 
FIFTH  FLOOR 


CS-5 


FILE  NAME: 
CS5 


BLDG  PLAN  DATE: 


Courthouse  Square  Building  Quarterly  Crack  Monitoring 
November  25,  2009 


Courthouse  Square  Building  Quarterly  Crack  Monitoring 
November  25,  2009 


Courthouse  Square  Building  Quarterly  Crack  Monitoring 
November  25,  2009 


Courthouse  Square  Building  Quarterly  Crack  Monitoring 
November  25,  2009 


Courthouse  Square  Building  Quarterly  Crack  Monitoring 
November  25,  2009 


Courthouse  Square  Building  Quarterly  Crack  Monitoring 
November  25,  2009 


